REMOVE 1 EXIST PLUG-IN 

DISC. SWITCHES * RE- INSTALL 
AFTER COMPLETION OF ELEC. 
CLOSET WORK. 


SEE RISER DWG. E 
ft DWC E-21 FOR 
CONTINUATION 


1#4/0 TO BUILDING 
RISER 



5-4" CONDUITS, - 
4#500KCMJL. & 
If 4/0 GND WIRE. 

CABLE TAP SOX. ■ 


STRUCTURAL" 
TRUSS 


ROUTE BUSDUCT 
THRU TRUSS 


85 EAST PLAN 


SEE RtSER OWC E-23 A 
DWC E-21 FOR CONT. 

5-4" CONDUITS. 
4#500KCM1L. * 
1#4/0 GND WIRE 


CABLE TAP BOX. 

EXISTING LIGHT 
FIXTURE TO 
REMAIN 


^STRUCTURAt^ 


TRUSS 


65 EAST PLAN 


EXISTING 120/2O8V 
BUSWAY TO REMAIN 

EXIST. PANEL80ARD 
TO REMAIN 

EXIST COT 
TO REMAIN 


■CHILLED WATER 
PIPING TO 
REMAIN . 


EXIST CONDUIT 
TO REMAIN 

2000A COPPER 
BUSWAY. SEE 
GEN. NOTE #7, 
DWG E-l. 


DISCONNECT & REMOVE EXISTING 
PLUG IN FUSED SWITCHES AND 
REPLACE WITH PLUG IN CIRCUIT 
BREAKERS. (SEE BUSWAY SWITCH 
REPLACEMENT SCHEDULE, THIS 
DWG). TURN OVER PLUG IN FUSED 
SWITCHES TO THE PORT AUTHORITY, 

EXISTING CONDUIT 

TO REMAIN 


EXISTING 
DOOR 



TRANSITION BOX. 


SPECIAL OFFSET 
CABLE TAP 
BOX IN HUNG 
CEILING AREA 
TYPE 'D* 


SEE GENERAL NOTES S. 
DWG E-J. 

TO EXISTING LIGHTING PANEL. 


2000A COPPER 
BUSWAY. SEE 
GEN. NOTE f 7. 
DWG E-1. 


SEE GENERAL NOTE #9. 
DWG E-1. 


86t h. FLOOR 



BUSWAY SWT 

;h replacement schedule ~ 

I 

EXIST. SW. 

EXIST. FUSE 
RATING 

NEW BREAKER 
RATWG 

NEW 
FEEDS) 

NEW 

COT 

REMARKS 

86-1 

200A 

12SA 

22W/123AT 




85-1 

200A 

125A 

225AF/125AT 

4#1 CO 

1 Vr 


66-1 

200A 

200A 

225AF/200AT 

4# 5/0 CU 

T 


66-2 

200A 

125A 

225AF/123AT 

4#1 CU 

1 % /T 


66-3 

200A 

200A 

225AF/200AT 

4f 3/0 CU 

T 


65-1 

20QA 

200A 

225AF/200AT 

*#3/0 CU 

T 


65-2 

200A 

125A 

225AF/125AT 

4|1 CU 

1 Vr 



CEIUNG 
CONSTRUCTION 

SHEETROCK 


TO EXISTING LIGHTING PANEL. 1 


2000A COPPER 
3*.4W.277V PLUG IN 
DISCONNECT SWITCHES 
BUSWAY 

DISCONNECT it REMOVE EXISTING 
PLUG IN FUSED SWITCHES AND 
REPLACE WITH PLUG IN CIRCUIT 
BREAKERS. (SEE BUSttAY SWITCH 
REPLACEMENT SCHEDULE. THIS 
DWG). TURN OVER PLUG IN FUSED 
SWITCHES TO THE PORT AUTHORITY. 


NOTES: 

1. SEE DRAWING E-1 FOR BUSWAY SCHEDULE * GENERAL NOTES. 

2. INTERCEPT EXISTING PANELBOARD FEEDERS. SERVING TENANT SPACE 
PANEL80AROS, IN TENANT HUNG CEILING AREA PROVIDE PULLBOX. 
FOR SPUCINC. 


SEE GENERAL NOTE #9. 
DWG E-1. 


85th. FLOOR 


REMOVE EXISTING 1600A ALUMINUM BUSWAY. 
SEE GENERAL NOTE #13 it 14 DWG E-1. 

EXISTING BUSWAY 
TO REMAIN (TYP) 
84th. FLOOR 



TO CIRCUIT BREAKER 
#65-1. SEE SCHEDULE 
ON THIS DRAWING FOR 
FEEDER SIZE 

2000A COPPER 
BUSWAY. SEE 
GEN. NOTE #7. 
DWG E-1. 

REROUTE NEW CONDUIT 
* CONDUCTORS OVER 
BUSWAY MATCH EXIST 
FEEDERS & BRMSCH 
CIRCUITS. 

3 1/2" FEEDER 

SPLICE BOX 
(TYP) 

CUT EXISTING 
CONDUIT & 
PROVIDE NEW 
JUNCTION BOXES 
FOR SPICING 

1#4/0 TO BUILDING 
RtSER 


EXISTING 1600A 
BUSWAY TO 
REMAIN. 

UTILIZE EXISTING 
BUSWAY aooR 
SUPPORTS. 

CAP EXISTING BUSWAY. 
TO TENANT SPACE. 

TO EXISTING LIGHTING PANEL 
TO TENANT SPACE. 


SPECIAL OFFSET 
CABLE TAP 
BOX IN HUNG 
CEIUNG AREA 
TYPE 'D' 

CEIUNG 
CONSTRUCTION 


85th FLOOR SECTION A-A 
& PART RISEW 


REMOVE 2 EXIST PLUG-IN 
DISC. SWITCHES & RE-INSTALL 
AFTER COMPLETION OF ELEC. 
CLOSET WORK. 

67th. FLOOR 


SHEETROCK 
EXISTING 


DOOR 



HOLLOW BUSWAY 
ENCLOSURE TO ATTACH 
TO EXISTING BUSWAY 
STRUCTURAL SUPPORT. 

DISCONNECT & REMOVE EXISTING 
PLUG IN FUSED SWITCHES AND 
REPLACE WITH PLUG IN CIRCUIT 
BREAKERS. (SEE BUSWAY SWITCH 
REPLACEMENT SCHEDULE. THIS 
DWG). TURN OVER PLUG IN FUSED 
SWITCHES TO THE PORT AUTHORITY. 

SEE GENERAL NOTE #9. 
DWC E-1. 

66th. FLOOR 


DISCONNECT & REMOVE EXISTING 
PLUG IN FUSED SWITCHES AND 
REPLACE WITH PLUG IN ClRClirT 
BREAKERS. (SEE BUSWAY SWITCH 
REPLACEMENT SCHEDULE. THIS 
DWG). TURN OVER PLUG IN FUSEO 
SWITCHES TO THE PORT AUTHORITY. 

TO TENANT SPACE PANEL. 
TO EXISTING LIGHTING PANEL. 

2000A COPPER BUSWAY. SEE 
GEN. NOTE |7. DWG E-1. 

SEE GENERAL NOTE #9, 
DWG E-1. 

65th. FLOOR 


1600A. 480/277V 

ALUMINUM. PAIRED PHASE 
BUSWAY TO MATCH EXISTING 
FEDERAL PACIFIC BUSWAY. 


-REMOVE EXISTING 1600A ALUMINUM BUSWAY. 
SEE GENERAL NOTE #13 A 14 DWC E-1. 

TRANSITION BOX. 


t 


ONE WORLD ^ 
ISA* (g) 


\ 


TWO WORLD 
TRADE 


REMOVE £3) EXIST PLUG-IN SWITCHES 
FROM EXISTING BUSWAY * RE-INSTALL 
AFTER INSTALLATION OF REPLACEMENT 
BUSWAY. REPLACE EXISTING PANEL 
FEEDERS AS REOUlRED. 


EXISTING BUSWAY 
TO REMAIN (TYP^ 

64th. FLOOR 


SHAFT ft 
ELEC. CL. 
AREAS 


^1 


65th FLOOR SECTION A-A 
& PART RISER 


V 


J 


WORK AREA KEY PLAN 


Sheet 


5><3 « 41 



HP 


Eajjaewing Program Miatgn 
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LOW VOLTAGE DiSTMBUTlON 

TWO WTC 

ELECTRICAL 
69TH * WfN FLOOR 

EAST ODE 
ELECTRIC CLOSET PART PLAN 


This drawing subject to conditio ns in contract. 
All invention*, idea*, designs ond methods 
herein ore reserved to Port Authority ond 
moy not be used without it's written consent 
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